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automatic siphon. The sand filter was doubled in area and re-
duced in depth, and constructed as two filters, either one of
which may be used while the other is rested. There has been
no further trouble for about two years since the improvements
were made.
It is necessary occasionally to clean out the holes in the iron
distributing pipes in the percolating filter.
The quantity of sewage handled by this system when completed
was about 5120 gallons per day. There is a dose of 85 cubic feet
through the siphons about once in every three hours.